Expansion  Ridge  Lap 
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Note:  Refer  to  Technical  Installation  Manuals  for 

~  the  installation  of  the  roof  panels  at  the  ridge. 


Expansion  Ridge  Flashing 
BFL675 
Fastener  #4 
1/4”-14  x  7/8" 

Lap  Tek  At  6”  O.C. 


Roof  Panel 


UltraDek  /  DoubleLok  Roof  Expansion  Ridge  Detail 


NS0915 


Note:  Refer  to  lechnical  Installation  Manuals  for 

the  installation  of  the  roof  panels  at  the  ridge. 


BFL675 


Expansion  Ridae  Expansion  Lap 

(Required  Af  200’-0  Intervals) 

Fold  the  edge  of  the  FLASHDEK  over  the  BFL675  making  sure  that  the 
end  of  the  FLASHDEK  is  past  the  uphill  edge  of  the  metal  outside  closure. 
Do  not  fasten  the  Expansion  Lap  Cover  BFL676-16  down  to  the  Expansion 
Ridge.  Use  duck-bill  pliers  to  crimp  the  flange  of  the  Expansion  Lap 
Cover  over  the  Expansion  Ridge  trim. 
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Fastener  #4 

1/4"— 14  x  7/8"  LL  Lap  Tek 
At  6"  O.C. 

Tri-Bead  Tape  Sealant 
HW-504 

Outside  Metal  Closure 
HW-430 

Back  Up  Plate 
HW-7740 

Tri-Bead  Tape  Sealant 
HW-504 


Expansion  Ridge  Flashing 
BFL675 


Peak  Purlin 


Blanket  Insulation 


UltraDek  /  DoubleLok  Roof  Expansion  Ridge  Detail 
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8”  Girt 

Sidewall 
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1/2"  x  1”  A307  Bolt 
Open  Hole 


Corner  Detail  at  Main  Frame  Endwall 

8”  by-pass  Sidewall  /  and  8”  by-pass  Endwall 


NS0122 


Fastener  //IE 
1/4”— 14  x  1  1/4” 
All  Locations 


Upper  Panel 


Back  Up  Plate 

.7132  (HW-7740) 

1  1  Fajstener  Sequence 


Panel  Clip 


Panel  Installation  Sequence 


Fastener  //IE 
l/4”-14  x  1  1/4” 
8  Per  EndLap 

Vise  Grip® 
Locking  Plier 


Tri-Bead 
Tape  Sealant 
(HW-504) 

Lower  Panel 


Fastener  flE 
1  /4"-1 4  x  1  1/4"  SD 
(8)  Per  EndLap 

Upper  Panel 


Panel  Clip 

Lower  Pone! 
Slope 


Blanket 

Insulation 


Cross  Section  Of  EndLap 


Tri-Bead 
Tape  Sealant 
(HW504) 


Back  Up  Plate 
(HW-7740) 


Fastener  #1 
l/4"-14  x  1' 
(2)  Per  Clip 


(UD/DL)  Standing  Seam  Panel  Lap 

EndLap 
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1/4" 


Corner  Column  could  be 
double  Cee,  Hot  Rolled 
or  Built-up  Plate  Col. 


SC-58 


O 


O 


<■ 
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0-10  1/2” 


Sidewall 


O  =  1/2"  X  r  A307  Bolt 
=  Open  Hole 


Corner  Detail  At  Bearing  Frame  Endwall 

8”  By-pass  or  flush  Sidewall  and  8”  by-pass  Endwall 
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NOTE: 

1.  These  drawings  are  intended  to  depict  general  installation  of  item(s)  described  obove.  Some  item(s)  may  hove  been  omitted  for  clarity  of  presentation.  Consult  your  erection  manual  or  odditionol  S-Sheets  for  further  guidelines  ond/or  clarifications. 

ATTENTION  INSTALLER:  in  the  event  that  o  discrepancy  or  error  arises  with  materials  shipped  for  this  project  or  these  construction  drawings,  the  installer  must  notify  the  manufacturer  prior  to  correcting.  If  manufacturer  is  not  notified,  manufacturer  will  not  honor  bock  charges  from  any  party  involved. 
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